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INTER-OFFICE MEMORANDUM 


Frank Stuapf 


m: H, Gropp 


Date: Nov. 19, 1969 


CAFCO BIA2X -SHIELD TYPE D 

Last Saturday, Hoy* 13th, 1969, Allan Bessemer was at the World Trade 
Cantor alt* and tbay vara tast a praying some exterior columns vlth 
CAFCO BUir-SaiELD TYPE -D. 

Allan raporta to mm that, for sono reason, the Type D does not sees to 
•ant to stick to itself, Alan aaya that vhan you are initially spraying 
tha Type 0 to tha bare at eel it sticks fine. Vhan the thickness la to 
bo built up, tha fiber sees* to hit tha prlYlously sprayed fiber and roll 
or bounce off/ 

At first* Allan thought tha material was being sprayed without aufflclent 
water, sad was causing this problem. On checking, he found out that excessive 
water was being used and he had theu cut it back to recomw un ded water * fiber 
ratio ratea* 

■o significant change occurred, and tha problem continued as before* I asked 
about tha distance of tha spray no tele from the surface being sprayed, and Allen 
. re port ed that it ranged, upon his request, froa 18 to 25 Inches from the surface 
being sprayed. I asked about the angls of tha spray noule to tha surf see being 
spraymd and ha pointed out that it was perpendicular. 

What can ba causing this problem* Please advise at you*- earliest convenience* 
Thank you* 

cot J.F*V. H. Gropp 
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